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60-60-SM 

APT LI CANT — Zoiwlite Division, W. R. Grace 4 Co., 
owner. 

SUBJECT— Additional fire resistive beam. 

APPEARANCES— 

For Applicant: John C Ottmger. 

ACTION OF HOARD— Application reopened and resolu- 
tion amended in accordance with the report and recom- 
mendation of the Committee on Test. 

THE VOTE— 

Affirmative: Vice Chairman Klcinerl, Commissioner 
Fox, Commissioner Becker and Commissioner Klein, . 4 

Negative : 0 

Absent: Chairman Foley 1 

THE RESOLUTION— 

Whereas, the report of a Committee On Tat reads: 
GO-60-SIvJ — Amendment to resolution as to additional fire 
resistive .beam. 

_ Zcnfolite Division AV. R- Grace & Co., requested that the 
resolution adopted October 14 1500 and anu.-ndi.il October 31, 
1961 under Cut. uO-GO-SM be reopened and amended » 
as to include additional fire proofing of bomi. 

JjfiOPQ'S fs^^SSBs^MSt^B^toe^!^'^ "■jiiflfortt: four > 
riftur . fire .-.eejUliye-rattaE; tested ' bewnsv 

DESCRIPTION: The material is the same « tlial Trt-cs- 
ently approved. Tlic rcnuot is to show an additional fire 
resistive beam construction. 

INSPECTION AND TEST: A iteel beam, incorporated 
in i floor construction was tested at the Underwriter!' 
Laboratories in arcurdaitce with (lie requirements of C-26- 
609.0 and C26-588.0 through C26-SS0.U Adtniniitrattve Build- 
ing Code. The beam was protected with y t inch of Monokote 
applied directly to and following tlic contour of the beam. 
The beam successfully met the requiranciits of a four hour 
fire resistive column protection. The complete report Un- 
derwriters' Laboratories R 4 J 7-1- 24 is on rile with and is 
part of the record. 

" RECOMMENDATION: The Committer 'on Test recom- 
mends that the resolution adopted October 18. i960 and 
amended October 31, 1961 under Cal. 60-60-SM. be reopened 
and amended so as to include tjic additional fire resistive 
beam when protected with Vi indi ol Moiiu-Kote applied 
directly to and following the contour of [he beam, on con- 
dition that all othvr requirements of the resolution adopted 
October 18. 1960 and amended -October Jl, 1961, under CaL 
60-60-SM be complied with,-' 

(Sgd.) William A. Nolan. 

Director, 

Joun A. Darts, 

Ctoici V. Sw.ehawk, 

Asst. F.nRr, 
Committee on Test 

Resoh-ed that the Board of Standards and Appeals does 
hereby amend the above cited resolution in accordance with 
the above report. 
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Boras* Sept. ^--^ 


PA !^WDEP^TJMENT__ i 

Chairman. 


